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StsalKraft 



THIS POLDER CONTAINS 
INFORMATIVE DATA AND 
SPECTpiCATIONS 
ON 

SISALKRAPT COPPER ARMORED SISALKRAPT SISALATION 



NOTE: If you would like a supply of covers similar to the 
one in which these specifications are enclosed, we 
shall be pleased to furnish them in standard or 
legal size, in the quantity you request. 



SisalKraft 



SISALKRAFT SPECIFICATIONS 

• COPPEIUAR I^iQRED SISALKRAFT 

Sheet No, 

Foundation Damp Coursing • • 1 

Membrane Waterproofing . • 2 

Flashlng^Roof & Side Wall Junctures 3 

Ridge Roll Flashing . 4 

Kltered Roof Flashing • 5 

Apron Dampcourse 6 

Corner Flashing ... 7 

Flashing Parapet Walls 8 

Drip Cap Flashing 9 

Flashing Doors & Windows - 10 

Heads of Doors & Windows (Solid Kasonry) 11 

Doer cSc Wlndovr Heads (Veneer Construction). •. 12 

Sill Flashing (Frame) .13 

Sill Flashing (Mfesonry or Veneer) ♦ 14 

Spandrel Beam Waterproofing, • • 15 

Waterproofing Shower Stalls 16 

ORAN&E LABEL SISALKRAFT 

Kaklng Floors Moisture, Air & Dust Proof • 17 

Curing & Protecting Concrete (Monolithic & Exposed Slabs). ... 18 

Backing up Stucco - With Solid Wood Sheathing 19 

Backing up Stucco ^ Without Wood Sheathing 20 

A Dry Sheet Under Roofing 21 

Over Sub-Fill Under Concrete Slabs 22 

Protecting Sheathing 23 

SISALATION 

Insulation & Moisture-Vapor Barrier 

(Sldewalls - Frame or Brick Veneer) 24 

Insulation & Moistures-Vapor Barrier 

(Sldewalls - Brick) • , • 25 

Insulation & Molsture-Vapor Barrier (Floors) 26 

Insulation & Moisture-Vapor Barrier (Ceilings) 27 

Attic Lining (Insulating & Moisture Stop). 28 

DATA SHEET 

Electrostatic Shielding (Copper-Armored Sisalkraft 29 
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SPECIFICATION 



OF 



COPPER-ARIvIORSD STSALKRAFT 



FOR 



FOUNDATION DAMP COURSING 



The top BurfaceB of all foundation walls shall be 
dampcoursed with a layer of COPPER-ARiXCRED SISALKRAFT. 
The copper shall be applied in a continuous strip of a 
width the sanie as that of the foundation wall. Wher- 
ever joints in the material occur, the COPPER- ARKORED 
SISALKRAFT shall be lapped at least 4" and tightly 
sealed with mastic. 
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A. I. A. File No. 14-T 



StsalKraft —————— 

specification 



OF 

C0PPER-AR^fORED STSALKRAFT 
FOR 

MEMBRANE WATERPROOFING 

All basement footings, walls and floor slabs shall be 
waterproofed with a layer of COPPER-ARMORED SISALKRAFT 
using the widest practicable width applied with a liber- 
al coating of hot or cold mastic or plastic cement. The 
COPPER-ARMORED SISALKRAFT shall be lapped at least 6" at 
all joints., care being taken to mop both sides of each 
lap. The COPPER-ARMORED SISALKRAFT shall be applied on 
the outer surfaces of the walls horizontally, beginning 
not more than 6" below ground level. The COPPER-ARMORED 
SISALKRAFT shall be applied on floor slabs to the rough 
structural floor Just prior to the placing of the fin- 
ished floor surface. 
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StsalKraft 



SPECIFICATION 
OF 

COPPER- ARIIORED SISALKRAFT 
FOR 

FLASHING- ROOF AND SIDE-WALL JUNCTtjRES 

Sidewalls and roof Junctures shall be step- flashed 
With COPPER-ARMORED SISALKRAFT between shingle courses; 
the copTDer to extend up at least 2" on side-wall sheath- 
ing and at least 2" out on shingles and each succeeding 
flashing shall overlap by 2" the flashing under the 
shingle below. 
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A. I. A. File Fo. 7-A-l or 12-H-l 



SisalKraft 



S ? E C I 



? I C .A 



T I 0 I- 



OF 



co??':.R-An!:oR:i;r sisalkraft 



RID&E ROLL FLASH IIIG 

A continuous strro of COPP^^R-AR':ORED SISALKRAFT 
sh?ll be a^oliea. on all rir>-3;es. The cor>"^er shall be 
of B. i-'idth slightly less than thrt of the rid^re cover- 
ing and shell be pieced on top of shingles, extending 
en equal distance on each side of the ridge. 
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StsalKraft 



SPECIFICATION 
OF 

COPPER-ARl-lORED SISALKRAFT 
FOR 

MITERED ROOF FLASHING 

All mitered roof Joints shall be flashed with 
COPPER-ARMORED SISALKRAFT flashing. The copper 
shall be tacked to roof sheathing in a continuous 
strip at least 10" in width and shall be placed just 
prior to, application of shingles or other roofing 
material. 
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SPECIFICATION 
OF 

COPPER- ARMORED SISALKRAFT 
FOR , 

APRON DAl'^P COURSE 

In brick or stone veneer construction, a damp- 
course of COPPER-ARMORED SISALKRAFT flashing shall 
be applied at the base of all exterior walls. A 
continuous strip of copper not less than 30" in 
width shall be applied horizontally and shall ex- 
tend from the bottom brick or stone course upwards 
over the sheathing and secured to the sheathing 
with copper nails. 
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SisalKraft 



SPECIFICATION 
OF 

C 0PP3R -/JIMORED S ISAMAFT 
FOR 

CORIIER PLASHING 

Corners in all frame or brick veneer con- 
struction shall be flashed with a continuous 
vertical strip of COPPER -ARMORED SISALISAPT 
flashing, extending the full height of the cor- 
ner. The copper shall extend 2" on each side 
of the corner trin. 
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StsalKraft 



SPECIFICATION 
OF 

COPPERS-ARMORED SISALKRAFT 
FOR 

FLASHING PARAPET WALLS 

The center top brick course of parapet walls shall 
be set first and immediately followed by application of 
COPPER- ARiMORED SISALKRAFT. The COPPER-ARIvIORED SISALKRAFT 
shall be cut to a width v^hich will permit application over 
center brick course and extending on each side to within 
1/2" of the outer faces of the wall. The copper shall then 
be placed and formed over center brick course so that it 
will lie flat on the tvro outer brick courses. All joints 
in the COPPER^AR^iORED SISALKRAFT shall be lapped at least 
4" and tightly sealed with mastic. The application of 
copper shall be immediately follovred by setting of the two 
final brick courses. 



Sheet No, 8 
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SPECIFICATION 



OF 



COPPER- AR1-.0RED SISALKRAFT 



FOR 



DRIP CAP FLASHING 

Drip caps on all window and door heads shall 
be flashed with COPPER^ ARMORED SISALKRAFT 4" wide. 
Blind tack using copper tacks 1" apart at outside 
edge of drip cap and bend back against sheathing. 



# 
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SPECIFICATION 



OP 



COPPER ARMORED 3ISALKRAFT 



FOR 



FLASHING DOORS AND WINDOWS 

In frame or veneer construction, all door and 
window frames shall be flashed with COPPER ARMORED 
SISALKRAFT. The copper shall be applied using 6" 
strips, prior to the setting of frames. 
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SPECIFICATION 
OF 

COPPER-ARIfORED SISALKRAFT 
FOR 

HEADS OF DOORS AND FirOOWS (SOLID MASONRY) 

All door and v/indow openings in exterior walls 
shall be flashed vith 2 oz. COPPER- ARI'^ORED SISAL- 



KRAFT, the flashing to extend at least 12" beyond 
each jamb, carried through the wall and turned up at 




least 6" on the inside face of the wall and bedded 




in mastic. 




Sheet T\To. 11 
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SPECIFICATION 



OP 



COPPER- ARMORED SISALKRAFT 



FOR 



DOOR AND WINDOW HEADS (VENEER CONSTRUCTION) 

All door and window heads in exterior walls shall 
be flashed with 2 oz. COPPER- ARMORED SISALKRAFT. The 
copper shall be carried up at least 6" on the sheathing; 
It shall extend at least 6" beyond each Jamb. 
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SPECIFICATION 

GOr-'PER-ARMC-.^D SISALK-AFT 
FOR 

SILL FLASHIIIC- (FRAKE) 

All sills sliPll 03 flpsh^.'-"' •'-ith COP?r:R AR-'OREP 
SISALI'RAFT. ExtenrI from trrn ino bc^olz of sill to Pt 
least 1" ov-^r tho seconri cle'Dbor-r-^ "belo'-r the sill. 
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SPECIFICATION 



OP 



COPPER ARMORED SISALKRAFT 



FOR 



SILL PLASHING (Masonry or Veneer) 

All stone and brick sills shall be flashed with 
COPPER ARMORED SISALKRAFT beginning 1" from the outer 
face of the wall and extending back from the sill to 
the stool. 
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SPECIFICATION 
OF 

OOPPEIUARMORED SISALKRAFT 
FOR 



SPANDREL BEAM WATERPROOFING 

All spandrel beams and all floor and roof arches 
cestlng on exterior walls shall be vfpterproof ed vrlth 
2 02. COPPER-ARMORED SISALKRAFT. The copper membrane 
shall extend from within 1" of the outer face of the wall 
at the bottom of the beam or arch* The copper shall ex- 
tned through the wall and up on its inside face 6". For 
beams over 15", two pieces of COPPER-. AR^^ORED SISALKRAFT 
shall be used as illustrated. 

All joints in the COPPER-. ARMORED SISALKRAFT shall 
be lapped at least 4" and tightly sealed vrith mastic. At 
all columns the COPPER- ARMORED SISALKRAFT shall be turned 
up 6". All horizontal masonry surfaces upon which the • 
waterproofing is to be applied shall be free from loose 
materials and reasonably smooth. 

Typical spandrel , . , ^ 

waterproofing 
with beams 15" or 
less. 
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Typical spandrel 
waterproofing vrith 
beams over 15". 
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StsalKraft 




a p-j: -a I F I c A T i-o ji 



OF 



I 



COPPEFUARMORED SI3ALKRAFT 



FOR 



WATERPROOFING SHOWER STALLS 

All shover stalls shall be waterproofed by the 
application of a layer of COPPER- ARMORED SISALKRAFT 
over the rough structural floor. The copper shall be 
turned up on all walls not less than 6" to form a pan. 
Wherever joints in the C0PPER-.ARI40RED SISALKRAFT occur 
or where the material Is cut to allow for drains, laps 
shall be tightly sealed with mastic. We suggest the 
2-oz. weight of COPPER- ARMORED SISALKRAFT for this use* 
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STSALKRAFT 



SPECIFICATION 
OF 

SI3ALKRAFT 

MAKING FLOORS MOISTURE, AIR AND DUST PROOF 

Over all subfloors, SISALKRAFT is to be applied in 
the widest widths practicable. It shall be applied to 
run at right angles to the direction of the finish strips 
and lapped not less than 4". SISALKRAFT shall be bent up 
the full height of the baseboards and the base brought 
down over it to provide a cold air stop. 
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SPECIFICA 



ION 



OF 



3ISALKRA 



T 



~0R 



CURIIiCr Ai:^ -QT^CTirC- COl'CRETE (Monolithic enc^ T.xnosed Slabs) 

As soon pfter the finishing of the concrete as may be 
done without damage, cover ^-^ith one layer of Sisalkraft 
laid in the ''•'ir^est Practicable ^-^i^^th. All la^s must be at 
least 5" vride, continiio''isly seal^^'^''. '^■^ith a wa ter--r)roof cement 
as recommender' by the manufacturers. As an alternate m.ethoc' 
of sealing the laps, '^Vr^^TORDRY" masking; ta-oe l'.-^' ^-^ide (as 
manufactured by the Minnesota Kininj & Mfg. Co.) shall be 
■olaced over a 3" lap. The ta-oe shall be completely bonded 
to the SISALKRAFT. 

The SISALKRAFT shall be miaintained in goor^ conceit ion 
anr^ shall not be remover^ until so -'irecte^ by the Architect. 



Sheet No 
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SPECIFICATION 



OF 



SISALKRAFT 



FOR 

BACKIIIG UP STUCCO - With Solid Wood Sheathing 

Over all solid sheathed walls and other v/ood siir- 
faces to be stuccoed, cover with SISALI\RAFT applied 
horizontally, using large headed galvanized nails on 
weather laps of not less than 4'^ The SISALIffiAPT 
shall be carried over the studs, sills, heads and jambs 
of all openings and around all corner posts for a dis- 
tance of not less than 9" each way. No shower nailing 
shall be done. 



Sheathing 
SISALIfflAFT 



Stucco Base 




Note: The stucco 
base shall be 
applied over the 
SISALIiRAFT as 
illustrated. 



Stucco 
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StsalKraft 

SPl^CIFICATIOM 



SISALKRAFT 



FOR 



EACKIIIG UP STUCCO - Without Wood Sheathing 

All exterior stud walls to be stuccoed shall be 
covered with No. l6 gauge wires stretched taut and 
secured in -olace not over 6" apart. SISALKRAFT then 
shall be ar)plied horizontally over all exterior walls 
using large headed galvanized nails on ^-^eather laps 

of not less than The SISALKRAFT shpll be carried 

over the studs, sills, heads end Jambs of all or)Gnings 
and around all corner posts for a r^istance of not less 
than 9^' each way. 

Over SISALKRAFT a-oply galvanized stucco wire mesh 
with approved furring nails placed on 6" centers. Then 
aTDply stucco coat. 



Ko. 16 




Cralvanized 
stucco wire 
mesh 

(stucco Base) 



Gauge Wire.--_2^ 



SISALKRAFT 



-Stucco 
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SPECIF 



I C A T I 0 N 



OF 



SISAL 



K R A 



FOR 



A DRY SHEET UNDER ROOriHG 

Over all roof clecivS (^-^oo^.) SISALKRAFT is to be 
e.'o-ili3d usinr: the j6^^ ^^ridth and ap-olying' no more than 
irlll be covered the same day, A"0">1;/ horizontally, 
using large-headed galvanlzer' roofing nails ^-rith 
Heather la-os of not less than ^' " . Carry the SISALKRAFT 
over all hi-os and ri^lges, 18" on both sides, anr' carry 
it down to the bottom of all valleys an^ u"^i for that 
same ^Hstance on both sir^es. 

Wherever stained shingles are 3"oecified, they 
must be throughly r'rv before a^r)lica tion. 
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SPECIF LC-ATION 



OF 



SISALKRAFT 



FOR 



OVER SUB-FILL- UNDER CONCRETE SLA3S 
At or Below G-rade 

To prevent the entrance of cement into the voids 
of the sub-fill and to prevent displacement of the sub~ 
fill by workmen during the pouring of floor slab, cover 
all sub-fill completely with SISALKRAFT laid in the 
widest practicable widths lapped at least 9". 
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SISALKRAFT 
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SisalKraft — — — — 

SPECIF ICATIOiN 
CF 

SI SAL K RAF T 
FOR 

PRCTECTIKG SHEATHING 

All exterior Vfill sheathing, vood or other- 
vise, shall be covered with one layer of SISAL- 
KRaFT paper applied horizontally, using large- 
headed galvanized nails on veather laps of not 
less than four inches. The SISALKRAFT shall be 
carried over the studs, sills, heads and jambs 
of all openings and around all corner posts for 
a distance of not less than 9" each vay. No 
shover nailing shall be done, nor battens em- 
ployed. 
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— — stsalKraft 

SPECIFICATION 
OF 

SISALATION 
FOR 

INSULATION AND MOISTURE- VAPOR BARRIER (Sidewalls - Frame 

or Brick Veneer) 

SISALATION shall be applied vertically over the inside 

face of the studs. The product is to be lapped the full 

width of every other stud and fastened to every stud with 

staples or flat headed nails spaced approximately 12" 

apart. The excess material shall be carefully bowed into 

each stud area to provide maximum insulating efficiency. 

Care shall be taken to extend the SISALATION over the top 

and bottom plate. 
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SPECIFIC A. TIC N 
OF 

SISALATION 
FOR 

INSULATION AND K0I3TURE-VAK)H 3ARRI2R (Sldewalls - Brick) 

SISALATION shall be applied vertically over the 
Inside face of the furring strips. The product is to be 
lap-ned on every other furring strip and fastened to every 
strip with sta"Dles or flat headed nails spaced approxi- 
mately 12" apart. Care shall be taken to extend the SISAL- 
ATION over the top and bottom plate. 
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SPECIFICATION 
OF 

SISALATION 
FOR 

INSULATION /a^ID MOISTURE- VAPOR BARRIER (Floors) 

SISALATION shall be applied lengthwise along ihe under 
side of the floor joists. The product is to be lapped at 
least the full width of the Joist and fastened to each Joist 
with staples or flat headed nails spaced approximately 12" 
apart . 
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SPECIFICATION 
OF 

SISALATION 
FOR 

INSULATION AND MOISTURE-VAPOR BARRIER (Ceilings) 

SISALATION shall be applied lengthwise along the 
under side of the ceiling joists. The product is to be 
lapped at least the full width of the joist and attach- 
ed with staples or flat headed nails spaced approximately 
12" apart. Care shall be taken to allow approximately 
a 3" overlap with the SISALATION sidewall vapor barrier. 
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S P E C I F .1 C A T ION 
OF 

3ISALATI0N 
FOR 



ATTIC LTNTNCr (insulating and Moisture Stop) 

SISALATION shall be applied vertically along the under 
side of the roof rafters. The product is to be applied 
smoothly and fastened to each rafter with staples or flat 
headed nails spaced approximately 12" apart. 
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daoia sheet 



ELECTROSTATIC SHIELDIN& , - 

COPPER ARMORED SlSALKRAFT 

In the construction of radio or television studios; in 
hospitals or offices where diathermy or similar machines are 
used, or vhere delicate electrical measuring instruments of 
high sensitivity ahd Radar are tested, It is necessary to 
prevent the entrance or escape of static electricity, (or .other 
electrical interferences and disturbances.) 

The entire enclosure - walls, ceilings, and floors - must 
be completely shielded vrith a conductive material* COPPER 
ARMORED SISALKRAFT is the ideal shield. It has been established 
through exhaustive experiments and actual job use that COPPER 
ARMORED SISALKRAFT will do an efficient job of shielding. 

The method of applying COPPER ARMORED SISALKRAFT will differ 
according to the general situation and the materials employed. 
Various grounds and filters must be used in conjunction with 
COPPER ARMORED SISALKRAFT. Here also, the method of grounding 
and filtering will vary technically^ 

The COPPER ARl^ORED SISALKRAFT should be applied to the 
walls, ceilings, and floors, using a suitable waterproof ad- ^ , 
hesive, as manufactured by The Minnesota Mining & Manufacturing 
Co%, or other manufacturers. 

It is desirable that the widest widths practicable be used. 
It is of utmost importance that complete metal to metal contact 
be made at every lap. This can be accomplished by butt-joint-* 
ing the sheets and soldering a 2" wide strip of 1-oz* tinned 
copper over the joint. Lock- jointing where the two sheets meet, 
is another method. Flat-headed copper nails should be spaced at 
intervals to hold the joint in place. 

COPPER ARMORED SISALKRAFT is electro-deposited copper 
bonded to reenforced creped kraft. The combination produces a 
material as durable as much heavier expensive rolled copper, 
and is pliable and absolutely impervious to moisture. 

COPPER ARMORED SISALKRAFT is available in a variety of 
standard roll widths from 10" to 60*». All rolls are 120 ft. 
long, with Anaconda electro-deposited copper sheets weighing 
1, 2, or 3-oz. to* the square foote 

More Information about Electrostatic Shielding with COPPER 
ARMORED SISALKRAFT can be obtained by writing THE SISALKRAFT CO. 
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WHEEL 

for the answers to your questions about 

COPPER* 
ARMORED 
SISALKRAFT 




AERICAN 
SISALKR 

DOPA 



INSTRUCTIONS 

Identify your question by its number. Then spin the wheel 
until the number appears in the openmg. 
Just what is Copper Armored Sisalliraft? 
What are some of its physical properties? 
What will this product do for my clients? 
What uses are recommended? 
What widths are available? What weights? 
Are stated weights accurate? 
What about the cost of Copper Armored Sisalkraft? 
Will it bond to mortar? Can it be soldered? 
Is it as good as heavy rolled copper? 
What about its use decoratively? 
Can I get suggested specifications? 
Where is Copper Armored 
Sisalkraft available? 
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PACKAGING AND AGRICULTuR 



